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All hoods are equipped with water and extra heavy lead waste pipes for condensers. View 33 shows one of these brass water cocks of which there are two in each division of the hoods. View
T
Frc. 35-
33 also shows the way in which the gas is distributed to the various burners from gas cocks concealed in the hood cupboards below.   All working surfaces of the hoods and the tables are covered with stone slabs.    All heating apparatus is placed on an upper slab set on wooden cross pieces leaving an air space of about if inches.    This removes danger of the stone slabs being cracked by radiated heat.    The buck walls of hoods are of acid-proof brick with a white surface us shown in Views 31, 33, 34. The latter show the way the hoods are fitted with sliding doors and are framed with cabinet finished straight sawed oak.    The sliding doors the author has found to be far superior to any others.    The hoods along the walls of the laboratory are much to be preferred to center hoods.    The latter cut off the light, do not have a good draught and cannot be backed with acid-proof material.   Again the center hood is peculiarly subject to dirt